1490                STATUTES AT LARGE                      [RULES
Each utility selling more than one hundred million cubic feet of manu-
factured gas per year shall provide and maintain such apparatus and facili-
ties as are necessary for the determination of total sulphur and ammonia
in the gas; and each such utility shall periodically (preferably semi-
monthly) determine the amount of total sulphur and ammonia in the gas
distributed by it, and shall keep a record of the results of all such tests,
as provided for in Rule 4; Provided, however, that any such utility supply-
ing only water gas or oil gas, or mixtures of these, shall not be required
to provide apparatus for or make determinations of the amount of am-
monia, or total sulphur, except when ordered by the Commission. (Filed,
secretary state's office-August 4, 1937.)
GAS PRESSURE REQUIREMENTS
Rule 28. Gas Pressure Limits and Allowable Variation. (a) Maximum
and Minimum Limits. The pressure of manufactured gas supplied by any
utility, as measured at the outlet of the utility's service pipe, to any con-
sumer, or in the case of high pressure systems at the outlet of the house
governor should be maintained as uniform as practicable, and it should
never be less than one and one-half inches nor more than eight inches of
water column pressure except as the consumer may request in writing the
maintenance of some higher pressure when the maintenance of some higher
pressure lies within the power of the utility.
(b) Allowable Variation. Between the hours of 5 a. m. and 10 p. m.
the pressure of the gas at the outlet of the utility's service pipe, or house
governor, to any consumer shall never vary by more than the following
amounts, viz.:
Min. pressure maintained                     Max. pressure variation
permissible
12 to 3 inches                               3   inches
3   to 4 inches                               3Y2 inches
over 4 inches _ ............................... 4  inches
(c) No utility shall be deemed to have violated the preceding paragraph
of this rule if it can be shown to the satisfaction of the Commission that
the variations, in gas pressure occurring, were due to unforeseen demand
or to temporary conditions beyond the control of the utility (change in
these hours may be necessary in some localities to conform to the habits
of the people in the use of gas).
(b) No utility subject to relatively very heavy demands for house heat-
ing purposes only a few days each year shall be deemed to have violated
the preceding paragraph of this rule, if it can be shown to the satisfaction
of the Commission that the service rendered on such days met reasonably
the needs of the consumers, and that no inconvenience was caused them
by reason of pressure variation.
(e) No utility shall be deemed to have violated any stipulation of this
rule with respect to individual cases if it can be shown to the satisfaction
of the Commission that in any such individual case the service lines or
any pipe lines on consumers' property or beyond the street curb are of


